ETAL VN 


Clima Heating Services Ltd 


ompany / Installe! 


Engineer 
Company Clima Heating Services Ltd 
Address 14 
Flockton Crescent 
Sheffield 
South Yorkshire 
PostCode 513 9QR 
Tel No. 
Gas Safe Reg 
ID Card No. 
mec ae 
ea Rivelin EF Boiler 
2 Rivelin EF Boiler 
_ 
7 
5 
6 


lefects / Identified 


aueuwne 


Non Domestic Gas Safety Record 


Cert. No.|64 


Safety Inspection and reporting carried out in accordance with the Gas Safety (Installation and Use) Regulations and the Gas Industry Unsafe 
Situations Procedure No detailed internal inspection of flues (integrity, construction and lining) has been carried out. 


job Address| ‘ustomer / LandLord 
Name Engie Name 
Address “4 Company Engie 
Endcliffe Avenue Sees 4 
a Endcliffe Avenue 
South Yorkshire Sheffield 
PostCode S10 3ED South Yorkshire 
Tel. No 01142 224948 PostCode $10 3ED 
Tel. No 01142 224948 
Inspection Details} 
Make Medel ‘ue Type | Landiow’s Applonce nspectes | Operating Pressure | Heat apt (KW) | High Combustion | Low Combustion Safety devices Ventilation |Vsusl condition) Flue | Applionce 
sophance ‘ban Reading Reading corect. | Provsion |-offveand.”| Performance | ‘Serviced 
fio CO |G? alo coeo2, Pemten sasoctoy  fematon 
pom) % ppm) % sesh 
Broag Remeha Quinta Pro 115 FF Yes Yes 18.0 114.0 _ 0.0008 72 9.10.0002\22.9.3, Yes Yes Yes Pass Yes 
Broag Remeha Quinta Pro 115 FF Yes | _ Visual NA NA NA NANA NA NANA) NA Yes Yes No 


Labels and Warning Notice Issued 


Emergency Control Accessible Yes Gas Tightness Satisfactory No 
Gas Installation Pipework Visual inspection Satisfactory Yes 
Number of Appliances Tested 1 Equipotential Bonding Yes 


NEXT INSPECTION DUE ONOR BEFORE —g-Mar-2020 


Carried out safety checks in accordance with GSIUR 26.9 on Appliance 1 following heat exchanger replacement. Carried out gas appliance connector test and sprayed all disturbed joints with LDF. All okay. 


Issued by: Signed 


Print Name 


Received Signed 
by: 


Print Name 


